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Some Cities Where Chloride of Lime is Used in Connection with
Filtration Plants.
Little Falls, N. J.   Uses chloride of lime with after-filtration.
Harrisburg, Pa. Uses chloride of lime combined with alum
coagulation before filtration. The high bacterial efficiency of
99.94% is reported. Ratio 9 Ibs. per million gallons.436
Baltimore County Water Works Company. Here chloride of
lime is added before filtration. It has been found to lessen cost
of operation by reducing the quantity of alum used and to
lengthen the filter runs. The water is practically sterile. Ratio
12J Ibs. per million gallons.81
Cincinnati, Ohio. Thanks to this treatment, ranked most
favorably in typhoid rate (5.7), in 1910, among larger American
cities. The ratio of chloride of lime used is 5-12J Ibs. per mil-
lion gallons.437
Toronto, Ontario. The new sand filters, put into service
January 4, 1912, showed440 during April:
Bacteria in raw water........................18,524
Bacteria in filtered water.......................815
After sterilizing..................................5.3
(6 Ibs. of chloride of lime used per million gallons.)
Niagara Falls. Two new water purification plants have been
put into operation since the beginning of 1912, respectively,
by the municipality and by the Western New York Water Com-
pany, using coagulation with rapid sand filtration, and follow-
ing disinfection.
Typhoid Cases.
January.......................28
February......................12
March.........................5
May...........................7
June...........................1
July...........................1
Minneapolis.   The new plant under construction provides